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closed down partly or entirely, as the case may require. This
applies also to the center halves of the grates, which are controlled
and regulated in the same manner. Hence an absolute control of
the condition of the fire is effected by the regulation of the steam
and air blast. This design also prevents the formation of an un-
even fuel bed, thereby reducing the poking of the fires to a mini-
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FIG. 158.    BRADLEY PRODUCER.

mum, the  result being a better and a more uniform  quality of
the gas.

Producer Gas-fired Boiler Plant. Fig. 161 shows a boiler instal-
lation provided with gas producer firing. It is easily understood
that a battery of boilers can be heated by a battery of producers
and that the boilers can be at any distance from the producers. In
the plant shown in the illustration the producer gas goes at first to
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